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BUSDUCT VERTICAL SUPPORT DETAIL 

NTS, 


mm * 

^2) BUSDUCT 
^j) FLATWISE HANGER SQUARE "D* | HF-13-F 


AgO SPAONG AS PER 
RECOtOCNOATIONS ANO COOE. 


BUSDUCT WALL AMD FLOOR 
OPENING DETAIL 

NTS. 

MOTES: 

1. SEE ARCHITECTURAL DRAWINGS FOR FIRE SATING DETAILS. 



BUSDUCT HANGER - EDGWiSE 
SUPPORT DETAIL 


NTS. 


MOTE* 


DW* **SP- SgE AND SPAiJ .3 AS PER 
mawutacturdB RECOMMENDATIONS AND COOE. 

BUSDUCT 

EDGEWISE HANGER SQUARE 'D* #HF-78-E. 


CONNECT 
TO BOX 


CONNECTOR 
BURNOY 8ARTAP 
P.199 



CONNECT AU. COT. 
GROUND BUSHINGS. 


GROUND WIRE 


CONNECT ALL 
GROUND 
WIRES. 


CONNECTOR 
BURNDY 
SERVET 
P. 202 


GROUND WIRE 
CONNECTOR 


RISER 
CABLE 
SUPPORT 
ONLY 


TWtCAL GROUND CONNECTION 
DETAIL FOR CABLE SUPPORT 
AND PULL BOXES 

MOTES: 

^|) CABLE SUPPORT OOX IN SHAFT. 
CABLE SUPPORT 
4" RGS. 

<J) 500 KCMIL + lff/0 GROUND. 


COVERS FOR 


H -278-3 



VERTICAL CONDUIT SUPPORT DETAIL 


mm. 

CHANNEL IRON 
4* CONDUIT 
CONDUIT CLAMP 


NT.S. 


EXISTING 1600A 
PAWED PHASE 
ALUMINUM 8USWAY 


FEDERAL PACIFIC 
8USWAY 


SQUARE 'D' 
BUSWAY 



NEW 20COA COPPER 
BUSWAY 


GROUND LUGS 
(TYP OF 1) 


TRANSITION BOX DETAIL 

MOTES: 

1. ALL BUS BAR EXTENTIONS TO BE 2000A. COPPER. 

2. PLATING OF NEW BUSWORK TO MATCH EXISTING. 


Start 


4i .41 


A 
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LOW VOLTAGE OSTKBUTOK 

ONE ft TWO WTC 

ELECTRICAL 


ELECTWCAL 
DETAM.8 


1M« *wwng Mi>fKt to condition* in contract 
M MWCfAwt^ kMqs, dotiQns ond itkIIw<1i 
tttrain or* r— er v t d to Port Authority cod 
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